GAS SAFETY CERTIFICATE 


This form can be used as a Landlord’s gas safety certificate 


Contract Number vos Landlords Details If Different 
Customer Name Eng: & Name 
SiteAddress §— Gisnaps Houde Fats ~ + Address Naor 
SheFherd Enter Company 
Postcode Sio wle Postcode Registration 
Received By Signature Rented Accommodation (YES/NO Number 
Landiords Service Appliance Details 
App| appliance | Inspection é '. Flue Type 
Yes/No Repair Location Type Model Serial Number Burner Manufacturer (OF/RSIFL) 
F Zo. ; ; , < Itc 
1 | Yes lnspacvey | Flat 1 SYSRM Borel | Veissman - 26 Ku | 7116548 ! Veiss man es 
21 Ys lasgecien| Foe 2 Syste Kelly [| Ueiswey Iw | W16s43 Vejssien es 
3 | ‘es | ingann | lok S Slew Beit | Laisa 20K, | 6543 | Uéiswon 14S 
4| gs Infanior | God Sysiem beiley | Vtisinen 26 Kus | 1S 1618% | Ubissman gS 
General Safety Checks Result | General Safety Checks Resutt Ventilation 
(ies aa csaaeiadiaiamianad ws | Flue termination satisfactory (Yes/No/NA) 4s Low level free area cm? or ventilation flow rate inlet m’/n Actual Nw Required (Calculated) A) 
plete ean —e me ciegram ms ~ Herero a a SAIS | icy. High level free area cm? or ventilation flow rate extract mish | Actual ais Required (Calculated) V9 
Is the meter installation correct (Yes/No) Uys {s gas pipework electrically bonded (Yes/No) | Yp, All ventilation grills clear and unobstructed (Yes/No) a | Fans and/or flue interlocks operating correctly (Yes/No/NA) ne) 
en | Me MO es Details of any faults Remedial Action Taken Comments and calculations 
Gas Installation pipework sleeved and sealed as| ‘Are emergency valve handles in place and of 
appropriate (Yes/No) Mo labelled (Yes/No) > 
err al Rnlouroaded or klemided Ui _| Dovaives fall to the corect position (Yes/No) |p 
sanderds YeoNe) Ca Ypy, | Area clear of combustibie materia (Yes/No) | Ypy 7 
i 7 2 App tor | App2or | AppSor | App4or 
Appliance Checks ae High Hay Tee App 2 Appt tion! ‘App 1 Low |App 2 High| App 2 Low 
Flue flow test satisfactory (Yes/No/NA) yy, “as pcaeaia SALAS ORT OAR OND || al iva) xe) Curtoger Dioatta 202 {6} 3: Si $ aa ok? hey. 
Spillage test satisfactory (Ves/No/NA) @ Yas Yes A a le al we | rv ws nd __| Excess Air (96) aq | A | 24 [86 
Air/Gas switch operating correctly (Yes/No/NA) Yo) iy Yes _| Ys __| Sasratina measured awn Nay ” ND a nA | COICO, Ratio Oh | 0200'S] .c00 $ | coor 
rok proving devices operating correctly 2) Nis Yay sc i Air/gas ratio control setting (%/NA) wy a) Pv ey Gross Efficiency (%) as q 4% as 
GINA) 4 SA Be a Hh 
Burner lock out time (seconds) 40 jog % hs fm pas tempera (gross les eribiony) 2% |2o ES de) CO flue dilution (ppm) NA vy “4 NA 
Temperature and limit thermostats operating ral ~ 
Tenperaive and am >| tyr | er | Yor [Pero $4 | SB [46 [5-5 _|stncina ressure bar 24 [24 |24 | 24 
Heat net input rating data (kW) MM i nd Ay | Carbon Monoxide (COKpem) OZ | BV | 46 [GQ | working orescure imoay 21 | 20 [20 |2o 
Worksheet No (if used) Declaration of gas safety -| confirm that all of the above work described on this form has been satisfactorily icapprancs eats foriine (res/No) “wo “o> Me> | “o> | 
\26587 64 completed in accordance with the current Gas Safety (installation and use) regulations, standards and procedures, Has a warning advice notice been raised 2 
ae = 7 = (No or Warning natice Ser No or No's) WG NE 
Checked by (office use) Date 3G IF / iG Test Instrument ic) Uco 
Entered on database Soren | Test instrument serial number UG OME 2914 


Distribution: White - Customer, Yellow - Service Centre, Pink- Site, Greer Engineer 


Gas Safety Gertficate CHS-F-002 


Version No: 01 


Version Date: February 2015 


Security Classification: Unclassified 
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